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:hO-CHIh[>iIHIh 
tjft PLAN - 42nd FL - SS-41S ^ 



PLAN - 41st FL - SS-41S ^ 


M8S 


shwt 108 cm 224 


1. FOU LEGEND SEE DWG. |E-1, FOR GENERAL NOTES. ABBREVIATIONS 
AND LIGHTING FIXTURE SCHEDULE SEE DWG. #E-2. 

2. FOR TYPICAL SUBSTATION STAGE I SEQUENCE OF INSTALLATION SEE DWG. fE-4. 

3. REMOVE ABANDONED FIRE ALARM SYSTEM 3 DEViCt AND/OR CONDUIT SECTION. 

A. INTERCEPT AND REROUTE EXISTING WWNG SYSTEM TO PROVIDE SPACE FOR NEW 
INSTALLATION. PROVIDE JUNCTION BOX AT ENDS OF CONDUITS THAT REMAIN. INSTALL 
WIRE IN REROUTED CONDUIT SECTION AS SHOWN AND SPUCE TO EXISTING WIRES 
IN JUNCTION BOXES. 

5, RELOCATE EXISTING CARD READER AND INSTALL NEW EQUIPMENT. 
EXTEND EXISTING CONDUIT AND WIRING AS REQUIRED. CONNECT IN 
ACCORDANCE WITH CARD ACCESS SYSTEM WIRING DIAGRAM. 

ALL DEVICES FOR CARD ACCESS SYSTEM WILL BE PROVIDED BY THE AUTHORITY 
AND INSTALLED BY THE CONTRACTOR. 

CONTRACTOR SHALL FURNISH AND INSTALL ALL THE REQUIRED WIRING FOR THE CARD 
READER SYSTEM AS SHOWN ON DWG. 

CARD ACCESS SYSTEM MUST BE ABLE TO RESPOND AS FOLLOW: (c) STRIKE RELEASE 
BY PANIC PUSHBAR ACTION (b) STRIKE RELEASE BY SYSTEM CARD READER AND 
(c) FORCED DOOR ENTRY. ANY FORCED DOOR ENTRY MUST BE ANNUNCtATEO VIA 
CONTROLLER TO SYSTEM PC. 

6. 2#18 CABLE SHALL BE TEFLON JACKETED BELDEN #897+0 OR APPROVED EQUAL 
5#22 CABLE SHALL 8E SHIELDED, TEFLON JACKETED BELDEN #89777 OR 
APPROVED EQUAL 


FOR WIRING SEE — 

"CARD ACCESS SYSTEM 
WIRING DIAGRAM" THIS DWG. 



£QQB 



f 2(2#18) 
SEE NOTE #6 


5#22, 3-(2#18) 
SEE NOTE #6 


5#22 
SEE NCTE #6 



CARP ACCESS 
SYSTEM WIRING DIAGRAM 


TYPtCAL 


■£1 CONNECT 
TO EXIST. TSC 
STROBE TERMINALS 
■ EXISTING SENSOR CO. 
CONTROLLER 


■DOWN TO 41st FL. 
SEE DWG. #E-20 


l M m X CFJtTIFY THAT THIS IS A TRUE AND CORRECT 
£Of -i Of ONE Of THE CONTRACT DRAWINGS CON- 
SWlWfy A pa.pt 0F CONTACT NO. >*7g><^?.^7/ 

]"<> '(.VI IHE SAID CONTRACT WAS EXECUTED BY. 
l-AKTIti. , , 

EMUfet±£ Of DEStGN 


■FOR WIRING SEE 
"CARD ACCESS SYSTEM 
WIRING DIAGRAM* THIS DWG. 



PART PLAN "A' - 42nd FL. 
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Title 


TOWER ONE AND TWO 
LOW VOLTAGE _ 
SUBSTATIONS 
CONSTRUCTION AND \ 
INSTALLATION 

ELECTRICS ' 7 

SUBSTATION SS-41S 
STAGE I', 
REMOVAL AND. ^ ~ 
RELOCATION PLANS 
SHEET #2y K J 


No. DoU Rnfelon 


AjpOfOV l fl' 


Thb drostny tubjffct to eondSont ki contract 
Alt invention!, ietot, dMign* methods' 
htrwn or* rexMvod to Port Authority one* 
moy not b« vMd without ft* writUn eonttnt 


ROYZUAN 
FISCHER 


ROYZUAN 


Om^no* by Dram by .Chfcltttf by 


Datt 5-l-W d ' , ScoW AS WOTED^ 
Contract Number ' Dftnft* NumboV. 

WTC 802.071 £-22 ' 


